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Q ders ° 


Re: GEH12/1H1125 Renovations 
CIA Headquarters Building 


Mr. Kenneth A. Jacobson, Director 
Repair and Alteration Division 
Regional Public Builcings Service 
General Services Administration 
Washington, B. C. 20497 


Dear Mr, Jacobson: 


The enclosed incosplete scope of work describes in gén- 
eral terms the renovations associated with a photoproces sing 
area (4,100 sq. ft.), a separate automated docunent stora;e 
and retrieval aren (2,000 sq. ft.), and office renovations 
(2,000 sq. ft.) within the Central Intelligence Agency's 
Headquarters Building. The Agency's systems contract provides 
for design and installation of these separate specialized 
systems, It is requested that the General Services 
Administration (GSA) provide facilities design, GSA support 
services, installation and construction of the environmental 
shell and support utilities. Included also is a copy of a 
FY 1977 Work Authorization No, 77-09856-1 transforring $25,900 
fer design services only. Construction funding is being 
forwarded separately under Work Authorization No, 78-1054 
in the amount of 5195,009. 


As mentioned in the joint mesting discussions with 
Mr. James Stewart, you, and others on 21 June 1377, it was the 
Agency's suggestion that this design effort be undertaken as 
a change of scope of the GSA contract with the architect+ 
enginecring (A*E) firm selected for the Nortlisiie Computer 
Center, as its Uninterruptible Power Supply (UPS) systems anc 
this new photoprocessing area will occupy contiguous spice on 
the ground floor. In addition, the imagery storage and re- 
trieval system will require UPS power in a first floer location 
(1H1125}. Consequently, this power requirement must be inte- 
grated into the electrical distribution of the Northside 
Computer Center being designed by your A-E firm. 


It is anticipated that GSA will prepare a firm fixec price 
for design services and following completion of the AE design, 
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a second firu fixed price for construction services. Subse- 
quently, this Agency will amend both of these work authoriza- 
tions as required in FY 1978. Should additional informatioa 
be required, please contact Mr. on ST ATINTE 
351°7543. 


Sincerely, 


STATINTL 


nLe! 
Real Estate and Construction Division, OL 


Ene 5 


Distribution: 
Orig. - Addressee, w/encs 
1- OL/RECD/HEB Official, w/encs 
“1 - OL/RECD, w/encs 
1 - OL/RECD/HEB Chrono, w/encs 
1 - OL Reader, w/encs 


Approved For Release 2000/09/14 : CIA-RDP86-01019R000200050066-7 


Approved For Release deet/09/14 : CIA-RDP86-01019R0002000§Q666-7 


Architect-Engineer Scope.of Yc *% 


. General 


The consultant shall survey and aes mrs, specifi- 
cations, design analysis, and a detailed cost ¢ timate to 


> enovate existing office Space. £Or the tastaai “om oe an 
automated, film-based, document storage ond ret cieval SySicg 
with related utilities, [wo distinct areas 242 elanned: 


a. Storage and retrieval area with ea ie 5 
‘orm handling and viewing equipment (farst flee = Hecdederters 
puliding). 
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b. Photogriphic area with photocopy- photon 


ent and machine maintenance facilities (ground 
dane Building). 


wry 
ma 


2, Storage and Retrieval Area (1H1125) 


This area ot approximately 4,000 sq. ft. wiii contain 
in automated system to search, retrieve, scan vic ‘ 
rorm documents, and electronically transmit it 
verminal station for viewing or hard copying 


dak ow 


area is further divided into two areas. The-rc: 
its peripheral equioment will be ccntaines ir 
-ontrolled area. {2,000 se. ft.) on a raiséd 
office area, on slab, will be reconfigured 


5, Photoprocessing und Repair Area (GEO4/18) 


This area of evr eNaret 4,100 sq. ft., 
aouse three functions: photocopy ing, phetoproc: 
wnrelated general office machine repair facii.lz:: 
*ne photo areas will hive self-contained 15 ma 
stands, Ei lin processers, microeditor, ders 1a: 
vuplicators, automatic spool loading. The 
seneral purpose area with benches, ee 
“his area should be isolated from photopra: 
uust and air contamination [Note: the ee 
‘elationship between this tctal area and che Neo: 
c<nter Uninterruptible Power Supply (UPS) sysce 
PS require wore than the allotted 3,700 sq. 
-apair area will be relocated to another to-%-- 
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General Note: The utilities susport sh Sa snus 
“otal system rather than the initial system inc.ceted or cine 
attache d data sheets. 


4. General 


Ongoing systems Sue h Covene will deve and hurd- 


p 

ware configurations to meet the Agency's ae pcan requa couents 

and are not the responsibility of the A-E, The systems contractor 

snall provide the A-E with a comprenensive ecuicnent Lavo at a 

tuture date, A preliminary detailed listing of slectrica. So ee 

ments, heat loads, and special environmental ~-::uirements is 
attached. More detailed information will be vw: vided when availa- 
ble. Most cf the equipment will be self-contained, however, 

i preally electrical, service, drains, chemica’ iping, process 
chilled water pi ping; specialized chemicai exhacst systems «as 
required, etc., will be provided in ee AME Se Gs ete on Tem mend 
room, Parahex or Parawedge lighting diffusers s:all be previded 

mae existing lighting to reduce the glare on vi wer equ. prcnt 

screens. 
The. design shall provide for: 
Ga. The de6moli< 100) of exXisStin’ oflice ~ hi eacuies 
(slab to slab), removal of abandoned utilities to the 
extent possible. 
b. The heating, ventilating, ana aii-c onditiorin: 
(HVAC) system shall) incorporate 42 desien co caption. ct 
(5°R = “2°R and 50: percent = 5 percene rebet. ve Teas ey 
In the storage and retrieval area shall heve an uace rficer 
air distribution system utilizing a i2-inch re.:ed Tioor ~ienun. 

Process -CoOlTOe Shall ire provided by Unie, dew loey cis bad 

water, 480 volt, air handlers with open returr  ton-mount.. 

throwaway type filters rated not less than 89 vercent NES. 
humidification shail be provided, An air-condi ionins 

control system that responds to the design ecritcria, records 

ond alarms variations (including chilled water “lew and tov 

perature) from standard shall be used. Aperoxt ute py 40 tone 

of alr-conditioning capacity is Serer to pro oide proce 

cooling including redundant capacity to ensur: Atimuiots sper- 

et hon- and Manta Lndbrkitys  Tie-frest ser mic <a Doe eae? ite 
to 2. percent of phe eiréulated wie quantity, sa@liove welt 

_uitered, heated/cooled, and controlicd by 4 ec .bhabe ms6s- Gp 


VAC system to approximately the same design cy teria Boar 
conservation shall be a major consideration. Apvropriate 
safety and testing considerations shall be ircovnoruted., In 


the photoprocessing area, the air distributicr -yste 3 
provide <o0l, well filtered, humidified ofr. <The eae : 
pressure-should. be- kept Wisner than he trices 2 ee ise “4 


areas to prevent dust infiltration. 
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The architectural design shall een Cou 


creatment to provide. an acceptable noise leve’; a 
system (2,000 sq. ft.) utilizing Arun starr 


tile shall be supported by a 12-inch pedest of, Ora 
€ 


interlocked stringers (maximum resistance sheil be 
ohms, measured between floor surface and buiic’ e-- 
as outlined in NFPA No. 56A, Chapter 25, Sectls. 
architectural design shall provide for reuse 
lighting and as an alternate design, a su 


bullding standard accoustic tile and Pouren ise YLLOPres 
o 


2/7 VOLt lighting: fixtures shall be detailed. <he 
enveloné shall be treated oa 1 WHEGr proof “iat los 
water vapor transmission, 


A fire detection/alarm system shall cors2st of 
type detectors of the building type, suitah 


zones, above and on the ceiling and below ae 
appropriate. The local annunciator panel shi e 


a remote guard location. The area shali be } 
surinkler system in accordance with the Natic: 
appropriate water flow cd eUCG Os era ris in supouy 
Sprinkler heads shall be of the building stare: 


The chilled water supply/return, an oNTens on 
house system, will provide service to the unin «i 
valved taps for future expansion. The underflo-r 
designed so that all condensate, broken pipirr, a 
water drainage shall be contained within the era 

if 


ee 2 ea 6 ee Or 
Vee ? 
rae & ar 
eM us any 
wa” Relies ol 
ye ESAS 


proce di: Ee 
Bees y 
Reta ate 
oy 4 ft, 


ae a3 
POMS Sd 


Masonry 


oy ata 
ae, pd Oo ae on Gace 


TONLE atio 
Ted in are 


ome . fone is 
COmnecteda to 

tod by & Fire 

BO Ce ees a Eh 

eioinp. he 

type 

of the existing 
idna. ers plus 

areu shai be 

i L . 


through an under slab PIPLNng System To exisiiny House cra. 
A water detection system of the Be STL SEY SI end BS 
installed on the computer center fioor slab. 

The electrical power distribution system wi i cripinate in 
existing electrical power vault, which will kev: been exne. ded. 

fhis separate project, by others; 15 MenCne, wate: de Perc vence 

only and will increase the installed capacity f-om 4,060 EVA to 
8,000 kVA. Included in that project are ene iboetaillatioa ov 
electrical feeders, network Pi oun fecduc switcrbosrcd, 
and auxiliary equipment to provide this CUGGLe CRRA wists 

The clectrical distribution system hor be ee Ee OTT 
system shall be connected through a separate Coverntent-fuenishns 
60 Hz UPS system. The existing vault, UPS, enc computer center 
shall be connected with copper conductor feseec: sf tas arn vapr: 
size, The center shall be served from main Bre. ,,erwinels tnd 
secondary (local) distribution panéls.. Tre Pie Vine syetor Saal 
be split between normal and emergency A/T pons An omersency 
battery lighting system shall be included. Ses. rate sutosatic 
and manual equipment shutdown capabilities shal’ be iacerserated 


to provide For fire or equipment emergencies. 
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as General Requarenents 


a. All work is to be completed in conformer ce w 
General Services Administration (GSA? standaris. 7 
ylans and specifications shall be utilized 
construction contracts for this prefect. U 
shall be given to design maximizing enerry 


ny 


b. All construction designs shall conforr io Lcabie 
requirements of the National Building Code, Cac. itional 
Board of Fire Underwriters, GSA-RPT Fire Protec: i: ssentia 
Blectronic Equipment, National Electrical Cocs, and FPecercl, 


American, National Standards Institute (ANS.) 2  Wmerrcin 
Society ior Testing Materials (ASTM). 


? 
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a NAME OF AGENCY / BUREAU 


3. SEXD 6. im 


CENTRAL 


ENTRAL IN TELLIGENCE AGLNCY 


Se. NAME, ADDRESS, AND ROOM NO. OF AGENCY CONTACT (INCLUDE 219 co es 


¥ 4 5 
51 dopant mee is aan yan _ 
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Me Lean. Vira: inia Boas 


L. AP PROPFHATION 


7 


sae CTT METOey ata Ease ~ ; Ss, aes 

— TWSTRUCTIONS 1. ITEM4o - TYPE WITHIN THE PMTs OF THE, PWG PRINT {FED DO- (8G OA LIKED aARDENDING ON Line 6 
(LF RES. RED). 

2. MAILING - FOLD Ful KM ON FOLD MARKS TO: 


i SHOW COMPLE fbi. at WiINDOM. 


: aes aed RECCOMMEND USING WINDOW ENN E 
Bae AFTON GF WORK eer BATES j; ' 
: HORTHS EOE COMPUTER CRANES — Pueovade waa. prio cear ares eae 7 ce ES geile 6 


ssugeerofsco3e yequiremente to inciuds 2 oloioquracess 
comruter~inage storage and wotrival ares (aati ca 
1,600 sg. ft. of eavirommentally-controiled aces 
by December 1978. This vor: order is net coneids 
4t is vequested that GSA daserming a Fined ¢ 
sia time Cis will anaes c bas Peete a 
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